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1.0  PURPOSE 


The  purpose  of  this  report  is  to  give  a  general  overview  of  one  stage  of  the 
process  of  using  coal  as  a  primary  energy  source.  This  report  will  cover 
many  aspects  of  coal  handling  and  storage.  Since  the  size  and  type  of 
equipment  used  in  coal  handling  is  based  on  the  type  of  coal  used  and  the 
power  plant  requirements ,  this  report  will  be  written  in  generalities  and 
not  specifics. 

2.0  SUMMARY 

The  problems  involved  in  handling  and  storing  coal  outside  and  inside  the 
plant  of  the  consumer  have  increased,  and  one  might  say,  almost  in  proportion 
to  the  increase  in  the  size  of  boilers.  At  a  small  power  plant,  it  may  be 
necessary  to  handle  only  30  tons  of  coal  a  day,  while  many  of  the  larger 
plants  use  over  3000  tons  a  day.  Intensive  efforts  have  been  applied,  with 
fair  success  to  the  development  of  efficient  methods  for  handling  and  storing 
a  wide  range  of  tonnage.  However,  while  these  methods  will  vary  to  suit  the 
size  of  the  Diant,  many  of  the  operations  are  similar  whether  the  plant  is 
small  or  large. 

This  report  will  familiarize  the  reader  on  coal  handling  systems  and  equipment 
and  will  give  the  reader  a  general  view  on  how  the  equipment  is  us^d. 

3.0  COAL  SELECTION 

After  the  decision  has  been  made  to  use  coal  ,  an  analysis  should  be  made  on 
the  type  of  coal  to  be  used.  Every  design  decision  made  before  the  analysis 
may  prove  to  be  a  limitation  in  buying  coal  for  the  plant.  Purpose  of  a  fuel 
analysis  is  threefold:  (1)  To  find  out  what  fuels  are  available  to  the 
plant,  esoecially  what  grades  of  coal;  (2)  To  establish  the  relative  value 
of  these  fuels;  and  (3)  To  attempt  to  predict,  or  at  least  allow  for,  changes 
in  relative  value  in  future  years.  Unless  an  individual  was  qualified  to 
make  the  analysis,  it  would  pay  to  bring  in  a  professional  fuel  consultant 
at  this  time  to  perform  this  analysis. 

4.0  TRANSPORTATION 

The  three  most  common  ways  to  ship  coal  to  steam  generating  plants  are  by 
rail,  barge,and  truck.  Since  barge  shipments  are  limited  to  certain  areas 
and  truck  shioments  are  not  feasible  unless  the  coal  mine  is  located  near 
the  power  plant,  rail  shipments  are  the  most  used  means  for  coal 
transportation  to  the  steam  plant. 

In  transportation  by  rail,  the  three  basic  ways  to  ship  coal  are  by  bulk  rate, 
and  in  unit  and  integral  trains.  The  bulk  rate  train  is  a  shipment  of  :oa’ 
from  one  or  more  origins  with  a  definite  mini  mum  tonnage  that  qua!  if"  ’'or 
the  special  hulk  rate.  A  unit  train  moves  from  one  origin  to  one  destination. 
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with  the  possibility  of  other  trips  to  different  destinations  to  better 
utilize  the  equipment.  The  integral  train  travels  from  one  origin  to  one 
destination  and  returns. 

Total  coal  usage  and  time  scheduling  will  play  a  large  part  in  the  decision 
on  means  of  transportation.  With  a  small  usage  of  coal,  the  bulk-rate  train 
may  be  the  most  feasible  route. 

Unit  trains  seem  to  be  more  common  with  industrial  plants  consuming  at  least 
150,000  tons/yr  of  coal.  The  integral  train  is  mostly  used  by  electric 
utilities  with  a  large  coal  usage  requirement.  Other  factors  to  be  considered 
in  selecting  a  mode  of  transportation  are  train  capacity,  distance  between 
mine  and  plant,  car  type  and  capacity,  loading  and  unloading  facilities  and 
storage . 

One  other  means  of  transportation  used  in  the  coal  industry  is  overland 
conveyors.  Overland  conveyors  are  used  in  many  cases  where  the  mine  site 
is  located  relatively  close  to  the  steam  plant. 

5.0  UNLOADING  COAL 

Unloading  the  incoming  coal  is  the  first  step  of  the  handling  process  „t  the 
plant  site.  The  type  of  unloading  facility  is  very  much  dependent  of  she 
mode  of  transportation.  In  other  words,  unloading  a  train  is  very  deferent 
from  unloading  a  truck  or  barge. 

5.1  UNLOADING  BY  RAIL 

Rail  cars  will  usually  be  of  three  basic  designs:  (1)  The  convention >1  , 
manually  locked  door,  saw-tooth,  bottom  dump  hopper;  (2)  A  bottom  dome  ty./  . 
where  virtually  the  entire  coal  supporting  area  is  opened  for'  quick  uni-"-' 
and  (3)  A  top  dump  car. 

5.1.1  UNDERTRACK  HOPPER 

The  undertrack  hopper  is  basically  used  for  single  car  bottom  uump  unloading. 
The  saw-tooth  and  bottom  dump  type  cars  can  be  unloaded  in  an  undent' ink 
hopper.  A  remotely  operated  100-ton  bottom  dump  car  can  be  unloaded  in  ?0 
seconds.  The  manual  saw-tooth  cars  are  used  mainly  when  you  would  unload  10 
cars  or  less  each  week. 

5.1.2  TRESTLE-DUMP  SYSTEM 

In  this  system,  the  cars  are  emptied  from  a  railroad  trestle  onto  '  ~"og 
triangular  pile  below.  Depending  on  the  pile  height,  this  pile  mJ:  .-.'so  be 
used  as  an  active  storage  pile.  This  type  of  unloading  system  cr  1  :  *er  'c-. 
to  unload  several  cars  at  the  same  time  if  rapid  unloading  is  'e.  -c 
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5.1.3  ROTARY  CAR  DUMP 


This  type  of  car  unloading  is  required  for  top  dump  cars.  Rotary  car  dumps 
are  simple  in  the  fact  that  they  are  fully  automatic,  therefore,  no  skilled 
labor  is  required.  Rotary  car  dumpers  can  handle  as  many  as  35  cars/hr. 

This  system  is  used  when  handling  a  minimum  of  500  tons/day. 

5.2  UNLOADfNG  BY  TRUCK 

Trucks  are  unloaded  directly  into  a  basement  hopper  or  bin,  or  onto  an  outdoor 
storage  pile.  A  bottom  dump  truck  is  used  when  limited  to  dumping  in  a  hopper 
or  bin.  The  hydraulic  bed  type  dump  truck  can  be  used  in  either  type  of 
unloading. 

5.3  UNLOADING  BY  BARGF. 

Barge  unloading  is  usually  done  by  one  of  three  basic  ways:  (1)  Bucket 
elevators,  (2)  Bridge-type  unloader  with  rail  mounted  clamshell  buckets;  or 
(3)  A  crane  or  tower  housed  trolley  boom  with  a  clamshell  bucket. 

5.4  ADDITIONAL  EQUIPMENT  REQUIREMENTS  FOR  COAL  UNLOADING 

The  physical  properties  of  coal,  plus  weather  conditions,  often  necessitate 
additional  support  equipment  to  the  unloading  process.  Below  is  a  list  and 
description  of  equipment  that  may  be  required  in  coal  unloading  systems. 

a.  Shakers  or  Vibrators  -  This  equipment  is  used  in  conjunction  with 
rail  unloading  to  insure  the  complete  discharge  of  coal  from  the  car.  This 
is  especially  helpful  when  unloading  wet  or  partially  frozen  coal. 

b.  Thawing  Equipment  -  Heating  equipment  is  often  used  to  thaw  out  frozen 
coal  from  rail  cars.  This  equipment  may  be  in  the  shape  of  either  portable 

or  fixed  type  radiant  heater  using  either  electric  or  gas.  (NOTE:  Radiant 
heaters  are  used  to  avoid  explosions  and  fires).  Another  type  thawing  system 
is  the  thawing  shed.  This  is  just  a  heated  building  where  the  train  can  run 
through  with  heaters  installed  along  side  and  between  the  train  rails. 

c.  Dust  Suppression  Equipment  -  This  system  may  be  required  to  minimize 
suspended  dust  particles  in  the  atomosphere.  State  and  Federal  regulations 
are  usually  involved  in  the  Dust  Suppression  Requirement.  For  more 
information  on  Dust  Suppression,  see  paragraph  11.3. 

d.  Weighing  Devices  -  If  the  coal  is  to  be  measured  on  the  receiving 
end,  weighing  devices  may  be  used  in  conjunction  with  the  rail  and  truck 
shipments.  Rail  or  truck  scales  are  used  before  the  coal  is  dumped. 
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5.5  COAL  UNLOADING  OVERVIEW 

No  matter  what  system  is  used,  unloading  should  be  done  in  an  expedient  manner 
to  avoid  any  unnecessary  labor  and  mostly  to  avoid  any  costly  demurrage 
charges  on  the  transportation  equipment.  Once  the  coal  has  been  received, 
the  remaining  portion  of  the  handling  system  is  independent  of  the  mode  of 
transportation . 

6.0  FEEDERS 

A  feeder  is  a  device  that  delivers  coal  at  a  controlled  rate,  from  a  storage 
area  to  a  conveyor.  The  feeder  distributes  the  coal  uniformly  to  reduce  power 
cost  and  equipment  wear  and  to  insure  that  the  coal  load  does  not  exceed  the 
belt  capacity. 

6.1  APRON  FEEDER 

This  feeder  is  made  of  heavy  steel  pans  mounted  on  double  rolls  of  steel 
rolling  chain.  The  pans  carry  the  coal  along  at  low  speeds,  and  skirts  or 
side  plates  permit  the  coal  to  be  carried  at  considerable  depths  without 
spilling  over. 

6.2  BELT  FEEDERS 

Belt  feeders  are  nothing  other  than  short  belt  conveyors  with  closely  spaced 
idlers  for  support  against  the  impact  of  the  coal. 

6.3  BAR -FLIGHT  FEEDER 

Where  pit  depth  must  be  held  to  a  minimum,  the  bar-flight  feeder  works  well. 
This  feeder  consists  of  bars  or  flights  attached  to  two  strands  of  chain  in 
a  manner  that  permits  the  bars  to  slide  along  the  flat  bottom  of  a  trough, 
dragging  the  coal. 

6.4  VIBRATING  FEEDER 

The  use  of  the  vibrating  feeder  is  very  common  because  of  its  low  power  demand 
and  because  most  of  its  parts  are  not  subject  to  friction  wear.  Some  type 
of  electric  oscillator  is  used  to  vibrate  arms  or  bars  attached  to  a  feeder 
pan.  The  coal  flows  in  a  smooth  stream,  and  by  varying  the  intensity  of  the 
vibration,  the  feed  rate  can  be  regulated. 

6.5  OTHER  FEEDERS 

Other  types  of  feeders  used  are  rotary  plow  feeders,  reciprocating  feeders 
and  screw  conveyors. 
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7.0  COAL  STORAGE 


Coal  storage  is  usually  the  next  step  in  the  handling  process  after  its 
arrival  in  the  yard.  Storage  of  coal  can  be  divided  into  two  categories 
according  to  purpose.  Live  or  active  storage  supplies  the  firing  equipment 
directly,  while  dead  or  inactive  storage  is  kept  as  a  reserve  against  delay 
in  shipment.  Usually,  live  storage  is  under  cover  and  dead  storage  in 
outdoors.  Live  storage  is  kept  under  cover  to  keep  the  coal  slated  for 
immediate  use  from  freezing  and  other  effects  of  the  weather. 

7.1  OUTDOOR  STORAGE 

Where  outdoor  storage  serves  only  as  a  reserve,  normal  practice  is  to  take- 
part  of  an  incoming  shipment  and  transfer  it  directly  to  live  storage  wit1' 
the  plant,  and  to  divert  the  remainder  to  the  outdoor-  pile.  Coal  is  reci-n 
as  needed  and  routed  to  the  plant.  How  much  transfer  there  is  between  outer 
and  indoor  storage,  and  how  often  stockpile  coal  is  reclaimed,  depends  on 
the  coal's  storing  qualities,  the  size  of  the  pile  in  relation  to  plant  i '■ 
etc . 

Before  you  build  an  outdoor  pile,  there  are  several  things  to  know  about  tn 
behavior  of  coal.  First,  and  most  important,  is  that  all  coals  tend  to 
combine  to  some  extent  with  the  oxygen  in  the  air.  Usually,  this  is  an 
extremely  slow  process  called  weathering.  It  causes  some  loss  of  heating 
value  -  less  than  1%  the  first  year-  of  storage  for  most  coals,  bur  up  to  ?'• 
for  low-rank  coals  -  and  can  change  firing  characteri st ics .  Weathering  el ? 
tends  to  make  the  majority  cf  coals  slack  -  that  is,  it  promotes  a  ^odurti" 
in  size  or  crumbling.  Slacking  is  highest  near  storage-pile  surfaces.  anc 
is  greatest,  for  low-rank  coals. 

If  conditions  are  such  that  oxidation  of  coal  proceeds  at  a  rapid  rai°.  e- 
heat  can  be  generated  to  cause  soontaneous  combustion.  There  are  two  'ms:, 
ways  to  prevent  this  phenomenon:  (1)  Make  sure  that  air  moves  through  the 
pile  fast  enough  and  uniformly  enough  to  carry  away  heat  without  cans  mu  an 
appreciable  temperature  rise;  or  (2)  Reduce  air  flow  through  the  pile  ‘e  ■ 
minimum  fe  reduce  the  probability  of  a  reaction. 

What  might  be  called  she  free  air  flow  method  is  the  simplest,  hut  u 
limited  in  aopl icatinn  to  piles  of  sized  coal.  Reason:  Double- screened  - 
leaves  relatively  uniform  ?dr  passages  in  a  pile.  !r  smal  1  ,  s*oko  ;  ■  rd 
plants,  tt’is  works  well  hut  1  ar-oer  plants  a  rely  bin  sized  coals,  end  if  47 
are  yesent  in  the  unsized  shipments,  it  : s  necessary  to  use  the  second 
method:  Cut  air  flow  to  a  minimum. 
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The  best  defense  against  segregation  is  layer-piling.  When  you  store 
bituminous  coals,  build  up  your  pile  in  layers  of  from  1  to  2  ft  thick,  and 
thoroughly  pack  each  layer  (to  a  density  of  from  65  to  72  Ib/cu  ft)  to 
eliminate  air  spaces.  Form  the  top  of  the  pile  in  a  slightly  crowned  fashion, 
and  make  it  symmetrical  to  permit  runoff  of  water.  Cover  sides  and  top  with 
1  ft  of  compacted  fines,  and  cap  with  a  1  ft  layer  of  sized  lump  coal. 

Stockpile  subbituminous  coal  and  lignite  in  the  same  manner,  but  make  the 
layers  thinner  -  not  more  than  1  ft  thick.  It  is  not  practical  to  seal  these 
piles  with  coarse  coal,  since  it  will  weather  and  slack  to  small  size  in  a 
short  time.  However,  be  sure  to  cover  the  top  and  sides  with  slack  size  coal 
before  compaction.  In  addition,  place  snow  fences  across  the  pile,  normal 
to  the  direction  of  prevailing  winds.  This  helps  prevent  the  drifting  of 
fines,  which  can  cause  spontaneous  combustion. 

A  properly  built  and  sealed  pile  should  present  no  problem,  but  it  must  not 
be  forgotten.  For  large  piles,  make  a  visual  hot  spot  inspection  daily;  and 
do  it  at  least  weekly  for  smaller  piles. 

Heated  areas  can  be  spotted  in  wet  weather  by  rapid  drying  and  a  lighter  color 
of  the  surface  coal .  On  a  cold  or  humid  day,  streams  of  vapor  and  the  odor 
of  gas  are  signs  of  heating  or  of  air  entering  the  pile.  Hot  spots  also  can 
be  located  by  probing  the  pile  with  a  steel  rod.  If  the  section  of  rod 
withdrawn  from  the  pile  is  too  hot  to  handle  by  hand,  then  you  have  a 
problem. 

7.1.1  STACKING  CONVEYORS 

Stacking  conveyors  of  different  types  are  used  to  build  storage  piles.  The 
bucket  wheel  stacker/recl aimer  is  frequently  found  in  both  industrial  and 
utility  plants,  because  of  its  ability  to  perform  both  stackout  and  reclaim 
operations.  This  stacker/recl aimer  is  used  to  build  long  triangular  piles, 
operating  from  a  conveyor  running  parallel  to  the  pile.  Both  vertical  and 
horizontal-position  adjustments  are  usually  provided,  so  the  stacker  may  bui’  I 
onto  the  pile  as  close  to  the  top  as  possible.  When  the  pile  height  reaches 
a  maximum  at  one  end,  the  stacker  moves  a  few  feet  along  the  pile.  Reclaiming 
is  done  by  reversing  the  direction  of  the  wheel  and  conveyor. 

The  radial  arm  stacker/reclaimer  is  similar  in  operation  to  the  bucke*  -/heel, 
the  difference  being  the  configuration  of  the  wheel. 

7.1.2  LOWERING  WELLS 

A  conveyor  brings  the  coal  to  the  top  of  the  lowering  well.  As  the  fal’  ; 

inside  the  well,  the  coal  opens  gravity-operated  doors  at  the  proper  eie/iMon 
and  stacks  the  coal  in  a  conical  shape  pile. 
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7.1.2  TELESCOPING  CHUTES 

Telescoping  chutes  are  also  fed  by  a  conveyor.  The  chute  has  several 
sections  that  can  be  raised  or  lowered  to  minimize  the  free-fall  height  of 
the  coal.  This  stacker  has  an  advantage  over  the  lowering  well  in  that  it 
operates  without  contacting  the  pile.  This  makes  cleanup  and  reclaim 
operations  easier. 

7.1.3  STORAGE  PILE  CALCULATION 

The  following  is  the  formula  for  determining  the  capacity  of  a  storage  pile: 


D  =  2r 


Conical  Pile 
Capacity  =  Tc  in  Tons 


r - - - 1 


Tc  =  0.02618  r3  TAN  A 
Where 

A  Jc  - 

15°  -  0.01833^ 

40°  -  0.02197r3 

45°  -  0.02618r3 

50°  -  0.03120r3 

55°  -  0.03739r3 

60°  -  0.04535 r 

Example  Calculations: 

100  ft  Diameter  Pile 

35°  Angle  of  Repose 

Tc  =  0.01833  (50) 3 

=  2291  Tons 

7.2  COVERED  STORAGE 

The  amount  of  storage  capacity  required  dictates  the  type  of  structure.  For 
small  plants  a  simple  bin  might  be  enough.  Larger  capacities  require  the  use 
of  in-plant  tanks,  silos,  and  bunkers  designed  to  conserve  floor  space  and 
permit  convenient  flow  to  firing  equipment.  Still  larger  capacities 
necessitate  the  construction  of  huge  silos,  tanks  and  bins  outside  the  power 
pi  ant . 

Storage  bins  are  used  to  store  some  quantities  of  coal.  Bins  are  mostly 
cylindrical  with  conical  shaped  hoppers.  It  is  important  to  make  the  slope 
of  the  cones  surface  greater  than  70  degrees.  This  will  insure  100%  live 
storage  in  the  bin. 

Concrete  silos,  some  200  ft  or  higher,  are  becoming  increasingly  popular  for 
storage,  especially  of  western  coals,  which  have  greater  amounts  of  fines. 

The  totally  enclosed  silo  protects  the  coal  against  the  effects  of  weathering 
and  eliminates  fugitive-dust  problems.  The  silo  can  be  designed  for  100% 
live  storage  if  desired. 


r  -  Radius  of  Base  Cone 
Tc  -  Tons  of  coal  in  conical  pile 

h  -  Height  of  pile 

Coal  -  40  cub  ft  per  ton  @50  lbs  per  cub  ft 
A  -  Angle  of  repose 
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A  storage  shed  is  another  type  of  covered  storage  available.  This  is  nothing 
other  than  a  roof  extended  over  the  coal  pile  with  open  sides  for  ventilation. 
The  storage  shed  does  not  eliminate  freezing  but  does  limit  the  amount  of 
weathering. 

Coal  bunkers  usually  are  suspended  from  beams  and  girders  high  above  the 
firing  floor  of  the  steam  plant.  The  two  basic  designs  are  parabolic  and 
cylindrical  in  cross  section. 

8.0  CRUSHING 

Crushing  is  defined  as  "the  breakdown  of  particles  into  fragments  with  a  top 
size  greater  than  1/20  of  an  inch  (about  14  mesh)."  These  particles  may  range 
from  the  largest  lumps  found  in  as-mined  coal  to  smaller  sizes  fed  to  the 
crushing  machine  from  a  primary  breaker. 

Crushing  is  required  when  handling  unsized  coal,  and  may  be  done  near  the 
receiving  area  before  the  coal  is  stored,  or  in  the  plant  before  it  is  used. 
Most  coal  for  stoker-fired  plants  is  bought  in  the  required  size,  so  crushing 
is  not  necessary  unless  it  becomes  economically  advantageous  to  buy 
run-of-mine  or  large  lump  coal.  Pulverized  coal -fired  units  usually  have 
a  top-size  specification  larger  than  can  be  handled  by  the  pulverizer,  and 
crushers  are  necessary.  Run-of-mine  coal  is  also  often  bought  for  these 
units. 

In  most  industrial  plants,  unsized  or  oversized  coal  is  crushed  just  before 
it  is  moved  into  a  covered  storage  area.  Coal  that  is  stored  outdoors  is 
normally  crushed  after  it  is  reclaimed  from  the  pile  and  before  it  is  placed 
in  the  boiler  silos  or  bins.  Several  types  of  crushers  are  found  in  steam 
plants:  Rotary  breakers,  single  and  double  roll  crushers,  and  hammermills. 

8.1  SINGLE-ROLL  CRUSHERS 

These  crushers  are  usually  used  for  reducing  run-of-mine  coal  to  a  maximum 
size  of  1  1/4  to  8  in.  The  single  roll  crushers  have  a  toothed  roll,  which 
crushes  coal  against  a  breaker  plate.  One  disadvantage  for  some  applications 
is  that  the  abrasive  action  between  the  coal  and  plate  produces  a  relatively 
large  quantity  of  fines  Droduct  fineness  is  adjusted  by  shifting  the 
breaker-pl ate  position  with  respect  to  the  roll. 

In  some  units,  relief  springs  on  adjustable  breaker  plate  rods  protect  the 
roll  from  damage  by  debris.  The  plate  swings  away  from  the  roll  when 
particles  harder  than  coal  are  caught  between  the  two.  Others  protect  +he 
crusher  with  a  shear-  pin  on  the  driving  pulley.  This  breaks  when  hard 
materials  hamper  roll  rotation. 

8.2  DOUBLE  ROLL  CRUSHERS 

The  double  •'■riled  crusher  uses  the  impact  of  spec 'ally  shaped  teeth  on  both 
rolls  t-r  accomplish  most  size  reduction.  Compression  action  is  secondary, 
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thus  minimizing  fines.  Through  various  means,  size  adjustments,  sometimes 
up  to  11  inches,  may  be  made  during  operation.  One  popular  design  compounds 
two  double-roll  crushers,  a  primary  atop  a  secondary  crusher,  into  one 
unit.  It  is  operable  as  a  two  stage  crusher  or  as  two  separate  crushers  and 
may  be  adjusted  to  produce  any  desired  coal  size.  One  important  thing  to 
remember  about  the  double-roll  crusher  is  that  the  machine  capacity  varies 
dramatically  with  desired  size.  For  example,  from  a  5  inch  lump  feed  a  unit 
could  deliver  90  Tph  of  3/4  inch  product  or  150  Tph  of  1  1/4  inch. 

8.3  HAMMER -MILL  AND  RING  CRUSHERS 

These  crushers  accept  mine  run  feed  from  28  inch  lump  size  downward.  Both 
types  use  centrifugal  force  to  deliver  heavy  blows  to  the  feed  while  it  is 
in  suspension,  driving  it  against  a  breaker  plate  until  it  is  reduced  to  a 
size  small  enough  to  pass  through  the  discharge.  Grate  bars  may  be  included 
in  the  discharge  opening  to  fix  the  maximum  size.  A  varied  hammer  mill  design 
that  operates  in  either  direction  is  reversible  to  equalize  wear  on  its 
components.  The  acknowledged  high  capacity,  versatility  and  toughness  of 
hammermill  and  ring  crushers  must  be  balanced  against  their  production  of 
greater  fines  than  most  other  types,  and  the  need  for  thorough  maintenance 
and  prompt  replacement  of  parts  subject  to  sullying  and  wear.  Their  most 
popular  use  may  be  in  crushing  refuse  to  transportable  sizes. 

8.4  ROTARY  BREAKER 

Breakers  are  generally  designed  to  reduce  large  lumps  of  as-mined  coal  to 
manageable  size  for  further  processing. 

The  rotary  breaker  employs  a  slowly  revolving  cylinder  having  a  perforated 
plate  for  the  passage  of  coal  and  a  discharge  chute  for  refuse.  Lifters  on 
the  side  raise  the  coal  and  let  it  fall  to  the  bottom  using  gravity  as  the 
breaking  force.  Coarse  refuse  and  tramp  iron  are  discharged  to  a  refuse 
chute.  Undersized  coal  is  scalped  off  before  it  enters  the  breaker. 

8.5  SELECTING  TYPE  OF  CRUSHER 

Unless  one  has  considerable  experience  in  crusher  selection,  it  generally 
is  best  to  submit  specifications  to  the  manufacturer  and  allow  him  to 
recommend  the  best  unit  for  your  plant.  Here  is  some  of  the  data  you  should 
provide:  (1)  Type  of  coal  burned,  its  source  and  condition  (wet,  dry  or 
frozen);  (2)  Hard  grove  grindabil ity;  (3)  Type  of  crusher  feeder;  (4)  Feed 
size  to  crusher;  (5)  Product  size;  (6)  Allowable  percentage  of  fines;  and 
(7)  Crusher  throughput. 

9.0  SAMPLING 

A  continuous  flow  of  reliable  data  as  to  the  physical  and  chemical 
characteri st ics  of  the  coal  being  produced  is  required  by  producers  and  user* 
alike.  The  essential  data  mu«=t  he  obtained  by  analyses  made  of  samples  whi  ■ 
are  fairly  representative  of  the  coal. 


Samples  are  generally  gathered  at  intervals  from  the  product  stream  by 
automatic  mechanical  samplers  that  are  designed  and  built  to  yield  proper  test 
data  consistent  with  ASTM  sampling  principles.  To  obtain  completely 
representative  samples,  Increments  must  be  withdrawn  from  the  full  cross 
section  of  a  flowing  stream  of  coal.  The  mechanical  sample  cutter  should 
accept  with  ease  the  full  range  of  coal  sizes  to  be  found  in  the  stream. 
Experience  h^s  shown  that  the  cutter  width  should  be  from  two  and  a  half 
to  three  times  the  diameter  of  the  largest  possible  piece,  and  its  design 
and  velocity  of  movement  should  be  calculated  to  create  a  minimal  disturbance 
within  the  stream. 

To  maintain  a  given  accuracy,  the  number  of  increments,  or  the  quantity  of 
material  obtained  by  a  single  cut  of  the  automatic  sampler,  should  be 
increased  in  proportion  to  any  increases  in  the  top  size  and  type  of  product 
being  sampled,  that  is  raw  coal  or  washed  coal. 

The  basic  design  of  samples  is  dependent  on  the  following  preliminary 
information: 

a.  Weight  per  cubic  foot  of  material  being  sampled. 

b.  Size  of  material  and  ash  content  of  material  being  sampled. 

c.  Moisture  content  (surface)  of  material  sampled. 

d.  Tons  per  hour  in  coal  stream  being  sampled  plus  depth  of  stream  and 
velocity  of  material  to  be  sampled,  if  available. 

e.  Width  of  chute  where  sample  is  to  be  installed. 

f.  Quantity  of  sample  desired  for  analysis,  i.e.,  does  primary  sample 
need  to  be  crushed  and  sampled  by  secondary  sampler  for  smaller  amount  to 
be  sent  to  laboratory. 

g.  Lot  size  desired  (the  quantity  of  coal  to  be  represented  by  the  gross 
sample) . 

Sampling  is  broken  up  into  two  areas:  primary  and  secondary.  The  primary 
sample  is  taken  from  the  main  flowing  stream  of  coal.  The  secondary  sample 
is  taken  from  the  primary  sample  stream  of  coal. 

Some  of  the  different  types  of  samples  are  the  plate  type,  belt  type  and 
rotary  drum  type.  The  traveling  plate  samples  are  extra  heavy  duty  units 
designed  primarily  for  high  tonnages  and  special  applications  and  are 
practically  unlimited  in  this  respect.  The  belt  type  samplers  are  usually 
used  on  belts  up  to  24  inches  in  width.  The  rotary  drum  type  is  usually  used 
as  a  secondary  sampler  to  reduce  the  gross  sample. 


10.1  CONVEYING 


The  transportation  of  coal  from  the  unloading  point  up  to  the  steam  plant 
is  an  essential  part  of  the  handling  system.  No  one  type  of  conveyor  can 
handle  every  conveying  problem.  It  is  necessary  to  consider  all  the  variables 
such  as  the  type  and  size  of  material  capacity  required  and  distance  to  be 
traveled  both  horizontal  and  vertical.  It  is  also  important  to  consider  the 
auxiliary  equipment  such  as  bearings,  takeups,  pulleys  and  sprockets  when 
selecting  a  conveyor. 

The  types  of  conveyors  include  flight,  belt,  screw,  apron  and  pan,  elevators 
and  feeders.  Each  type  has  its  own  particular  characteristics  for  its 
application.  Sometimes  they  overlap  each  other.  Only  after  careful 
consideration  is  the  optimum  type  selected  for  a  specific  application. 

10.1  FLIGHT  CONVEYOR 

This  conveyor  consists  of  match  standard  chains  which  pass  around  head  and 
foot  sprockets  with  transverse  flights  which  push  the  material  along  a  trough. 
Flight  conveyors  will  operate  horizontally  or  inclined  up  to  a  45  degree 
slope. 

10.2  APRON  AND  PAN  CONVEYORS 

These  conveyors  consist  of  overlapped  steal  pans  which  are  supported  between 
two  strands  of  chain  which  pass  around  head  and  foot  sprockets.  These 
conveyors  can  also  be  used  as  feeders.  Dividers  can  be  placed  in  each  apron. 
It  then  can  convey  more  than  one  type  or  size  of  material  at  a  time. 

10.3  BELT  CONVEYOR 

The  belt  conveyor  is  an  endless  belt  used  for  transporting  materials  either 
horizontally  or  on  an  incline.  The  belt  travels  between  pulleys  discharging 
the  material  over  the  head  pulley.  Take-ups  are  used  to  ad.iust  the  tension 
on  the  belt.  This  type  of  conveyor  is  more  widely  used  than  any  other  types 
of  conveyors. 

Carrying  idlers  are  used  to  provide  rolling  surface  for  the  belt.  The  idlers 
are  usually  the  three  roll  type  with  the  two  side  rollers  inclined  at 
approximately  20  degrees.  Idler  spacing,  roll  diameter  and  the  correct 
bearings  are  important  factors  in  the  belt  operations.  Return  idlers  which 
are  straight  idlers,  are  provided  for  a  smooth  surface  for  the  return  of  the 
belt.  Impact  idlers,  a  special  type  carrying  idler,  are  placed  at  the  load 
point  to  protect  the  belt. 

Capacity  of  belt  conveyors  depends  on  the  width  of  the  belt,  degree  of 
troughing,  speed,  slope,  size  and  specific  gravity  of  the  material  being 
conveyed  and  its  angle  of  repose. 
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If  the  belt  does  not  discharge  over  the  head  pulley,  some  other  arrangement 
must  be  provided.  This  is  usually  done  by  trippers.  Traveling  trippers  are 
usually  used  so  that  the  material  being  conveyed  can  be  discharged  at  any 
point. 

10.4  SCREW  CONVEYORS 

This  conveyor  is  often  used  as  a  feeder.  It  is  possibly  the  oldest  device 
for  the  moving  of  bulk  material.  It  is  simply  a  conveyor  screw  rotating 
in  a  trough.  They  are  usually  totally  enclosed. 

Screw  conveyors  can  be  operated  either  as  inclined  or  vertical  conveyors. 
Their  efficiency  is  much  greater  when  operating  on  the  horizontal. 

10.5  BUCKET  ELEVATORS 

A  bucket  elevator  consists  of  an  endless  chain  or  belt  to  which  buckets  are 
attached.  They  are  used  for  elevating  materials  on  vertical  or  inclined  path 
The  basic  types  are  centrifuged  discharge,  positive  discharge,  continuous 
bucket,  single  strand  and  continuous  bucket-double  strand. 

11.0  COAL  HANDLING  SUPPORT  OPERATIONS  AND  EQUIPMENT 

Several  other  operations  are  often  required  to  support  a  successful  coal 
handling  process. 

11.1  WEIGHING  COAL 

Since  coal  is  a  major  cost  item  in  plant  operation,  it  is  important  to  weigh 
coal  when  it  is  deliwered,  and  again  just  before  it  is  burned.  The  first 
measurement  insures  that  only  the  energy  received  is  paid  for:  the  second 
provides  for  pi  ant  performances  calculations.  The  amount  of  coal  delivered 
can  be  weighed  either  at  the  unloading  point  or  somewhere  in  the  handling 
system.  Coal  flowing  to  individual  boilers  is  measured  during  final  handling 

The  basic  types  ot  scales  used  for  weighing  coal  as  received  are  the  truck, 
rail,  combination  truck/rail  and  conveyor  belt  units.  Weight  indicators  for 
these  devices  include:  (1)  Dials,  with  or  without  an  automatic  printout; 

(2)  Registering  beams;  and  (3)  Digital  indication. 


11.2  DUCT  COLLECTION 

This  is  a  dry  process  using  air  flow  to  move  the  dust  particles  to  be 
collected,  usually  by  bag  filters.  Depending  on  the  type  of  burning  system 
used  in  the  boiler-,  the  dust  particles  may  be  put  back  in  the  system  to  be 
burned . 
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11.3  DUST  SUPPRESSION 


Dust  suppression  systems  involve  the  spraying  of  water  (mixed  with  a  surface 
active  compound)  in  the  dust  area  to  minimize  the  possibility  of  dust  escaping 
to  the  atmosphere.  The  water  is  sprayed  in  a  fine  mist  form  to  maximize  its 
efficiency.  Dust  suppression  is  used  at  the  transfer  points  throughout  the 
entire  handling  system.  Anytime  coal  is  transferred  from  one  type  of 
equipment  to  another,  dust  problems  usually  occur. 

11.4  MAGNETIC  DEVICES 

Magnetic  devices  are  used  to  remove  any  metal  object  that  makes  its  way 
in  the  main  coal  stream.  It  is  very  important  to  remove  any  type  of  metal 
to  insure  a  longer  equipment  life.  One  of  the  main  metal  objects  found  in 
coal  are  the  teeth  broken  off  of  draglines. 

11.4.1  MAGNET 

One  type  of  magnetic  device  is  a  suspended  electromagnet.  This  magnet  is 
usually  put  over  the  tail  end  of  the  first  conveyor. 

11.4.2  MAGNETIC  SEPARATOR 

The  magnetic  separator  is  suspended  over  a  head  pulley.  This  separator 
consists  of  a  magnet  with  an  endless  belt  surrounding  it.  The  magnetic 
separator  not  only  picks  up  the  iron  but  also  conveys  it  to  a  collection  box. 

11.5  EXPLOSION  PROOF  TYPE  EQUIPMENT 

There  are  two  very  important  things  to  know  about  coal:  (1)  Coal  can  produce 
a  methane  gas;  and  (2)  Dust  particles  in  supsension  can  be  ignited.  These  two 
items  only  become  dangerous  in  confined  areas  and  then  only  where  a  spark, 
flash,  electric  arc,  etc.,  is  found. 

Any  area  that  is  capable  of  producing  an  explosion  or  fire  is  called  a 
hazardous  (classified)  location.  Locations  are  classified  depending  on  the 
properties  of  the  flammable  vapors,  liquids  or  gases,  or  combustible  dusts 
or  fibers  which  may  be  present  and  the  likelihood  that  a  flammable  or 
combustible  concentration  or  quantity  is  present.  Refer  to  the  National 
Electrical  Code,  Articles  500  through  503  for  a  detailed  description  of 
classified  locations. 

An  explosion  proof  device  is  a  device  enclosed  in  a  case  that  is  capable  of 
withstanding  an  explosion  of  a  specified  gas  or  vapor  which  may  occur  within 
it  and  of  preventing  the  ignition  of  a  specified  gas  or  vapor  surrounding 
the  enclosure  by  sparks,  flashes,  or  explosion  of  the  gas  or  vapor  within, 
and  which  operates  at  such  an  external  temperature  that  a  surrounding 
flammable  atmosphere  will  not  be  ignited  thereby. 


Without  any  further  explanation  in  this  area,  you  can  easily  see  that 
hazardous  locations  can  change  the  design  of  equipment.  For  example,  a 
crusher  located  in  a  hazardous  area  might  have  to  have  an  explosion  proof 
motor  and  controls,  depending  on  the  classification  of  the  area. 

All  in  all,  hazardous  locations  can  be  in  any  area  of  coal  handling  and 
should  always  be  respected. 

12.0  COAL  HANDLING  SYSTEMS 

A  coal  handling  system  can  be  simple  or  complex,  depending  on  how  the  coal 
is  received,  how  the  plant  is  situated,  and  what  is  expected  from  the  system 
in  terms  of  capacity,  flexibility,  convenience,  etc. 

Let's  take  a  look  at  a  more  complex  system  (see  figure  1.0).  This  system 
starts  by  unloading  a  train  car  by  a  rotary  car  dump  into  a  track  hopper. 
Hopper  belt  feeders  feed  a  conveyor  then  to  another  conveyor  thru  a  belt 
scale.  Onto  a  transfer  hopper  then  to  a  stacker  reclaimer.  The  coal  can 
also  be  put  out  to  an  emergency  pile.  After  the  stacker,  it  is  conveyed  to 
a  surge  hopper  to  a  crusher  and  then  to  another  transfer  hopper.  From  the 
hopper  it  is  fed  to  the  coal  silos  at  the  power  plant. 

Now  let's  take  a  simple  system.  Let's  assume  we  have  a  plant  located  in  a 
basement.  The  coal  is  received  by  truck.  The  truck  dumps  directly  into  a 
bin,  from  which  a  screw  conveyor  carries  coal  to  the  stoker  (burner). 

There  is  no  such  thing  as  a  typical  coal  handling  system.  What  might  work 
for  one  situation  or  area,  might  not  for  another.  Figure  2.0  is  a  chart  that 
shows  a  breakdown  of  the  overall  coal  handling  operation  in  typical  steps. 
While  the  flow  arrows  indicate  a  great  number  of  combinations,  the  chart 
cannot  possibly  cover  all  of  the  many  possible  arrangements. 

Let's  go  back  to  the  complex  system  discussed  previously.  On  the  chart,  the 
sequence  might  be  1A,  2,  4,  5,  3,  4,  6,  7,  8,  9. 

The  simple  system  with  the  truck  unload  would  be  1C,  6,  7,  9. 

13.0  CONCLUSIONS 

The  following  general  observations  and  remarks  are  made  concerning  this 
report . 


a.  The  size  of  the  handling  system  will  vary  depending  on  the  needs. 

b.  Handling  systems  can  be  simple  or  complex. 

c.  To  assure  proper  design,  outside  engineering  firms  proficient  in  the 
coal  handling  area  should  be  consulted. 
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Figure  1.0  Example  of  Ccal  Handling  System 
Used  At  Urge  Power  Plants 


FIGURE  2.0 


d.  A  coal  analysis  should  be  performed  by  a  professional  fuel  consultant. 


e.  Emphasis  should  be  put  on  the  prevention  of  the  possible  dangers  of 
explosions  and  fires. 

f.  Efficient  coal  handling  and  proper  equipment  selection  can  reduce 
fuel  costs. 


14.0  GLOSSARY 


ANTHRACITE  COAL  -  Any  coal  containing  86  to  98  percent  fixed  carbon,  on  a 
dry,  mineral -matter- free  basis. 

ASH  -  Theoretically,  the  inorganic  salts  contained  in  coal; 

pratically,  the  residue  from  the  combustion  of  dried  coal 
that  has  been  burned  at  1,380°F. 

BITUMINOUS  COAL  -  A  broad  class  of  coals  containing  46  to  86  percent  fixed 
carbon  and  20  to  40  percent  volatile  matter. 

COAL  -  A  natural  solid  material  consisting  of  amorphous  elemental 

carbon  with  various  amounts  of  organic  and  inorganic 
compounds . 

DEAD  STORAGE  -  A  coal  storage  which  is  used  to  guard  against  delays  in 
shipment . 

DEMURRAGE  -  Detention  of  a  vessel,  as  in  loading  or  unloading,  beyond 

the  time  agreed  upon. 

HARDGROVE  GRINDABILITY  -  An  index  used  to  determine  the  resistance  of  coal 

pul veri zation. 

LIGNITE  -  A  low  rank  of  coal  between  peat  and  subbituminous . 

LIVE  STORAGE  -  A  storage  of  coal  used  to  supply  firing  equipment  direct. 

RAW  COAL  -  Coal  that  has  not  been  cleaned  of  any  impurities. 

RUN-OF-MINE  COAL  -  Coal  as  it  is  taken  directly  from  the  mine. 

SCREENS  -  Equipment  used  in  sizing  coal. 

SIZING  -  The  grouping  of  coal  particles  into  desired  ranges  of 

particle  sizes. 

STOKER  -  A  mechanical  device  for  supplying  coal  or  other  solid  tuel 

to  a  furnace. 

SUBBITUMINIOUS  COAL  -  A  rank  of  coal  between  bituminous  and  lignite, 

classified  by  ASTM  as  having  a  range  of  heating  values 
between  8,300  and  11,000  BTU  per  pound  on  a  moist  mineral  - 
matter-free  basis. 

WASHED  COAL  -  Coal  that  has  been  through  a  cleaning  process  to  remove 
any  undesirable  matter. 


WEATHERING  - 


The  combination  of  coal  with  oxygen  and  air. 
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16.  MANUFACTURERS  OF  EQUIPMENT 

16.1  Rotary  Car  (Railroad)  Dumpers 

16.1.1  Heyl  Patterson,  Inc. 

16.1.2  FMC  Corp,  Materials  Handling  System  Division 

16.1.3  Dravo  Wellman  Co. 

16.2  Apron  Feeders 

16.2.1  Hewitt-Robins  Div.  Litton  Systems,  Inc. 

16.2.2  Universal  Engineering  Corp. 

16.2.3  Dresser  Industries,  Inc. 

16.3  Belt  Feeder 

16.3.1  Jervis  B.  Webb  Co. 

16.3.2  Fairfield  Engineering  Co. 

16.3.3  Midwest  Conveyor  Co. 

16.4  Virb»-ating  Feeder 

16.4.1  General  Kinematics  Corp. 

16.4.2  -MC  Corp  Material  Handling  Equip.  Div. 

16.4.3  Webb,  Jervis  B. 

16.5  Reciprocating  Feeder 

16.5.1  McNally  Pittsburg  Mfg.  Corp. 

16.5.2  Kennedy  Van  Saun  Corp. 

16.5.3  Fairfield  Engineering  Co. 

16.6  Sc^ew  Feeder 

16.6.1  Dresser  Industries,  Inc. 

16.6.2  Lively  Mfg.  &  Equipment,  Inc. 

16.6.3  Barber-Green  Co. 

16. 7  Stacker  Reclaimer 

16.7.1  McNally  Pittsburg  Mfg.  Corp. 

16.7.2  Stephens  -  Adamson,  Inc. 

16.7.3  Heyl  &  Datterson,  Inc. 

16.8  Telescopic  Chutes 

16.8.1  Midwest  Conveyor  Co. 

16.8.2  McNally  Pittsburg  Mfg.  Corp. 

16.8.3  Webb,  Jervis  B. 
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16.  MANUFACTURERS  OF  EQUIPMENT  (Continued) 

16.9  Roll  Crushers 

16.9.1  McNally  Pittsburg  Mfg.  Corp. 

16.9.2  Schroeder  Bros.  Corp. 

16.9.3  Pennsylvania  Crusher  Corp. 

16.10  Hammer  Crusher 

16.10.1  American  Pulverizer  Co. 

16.10.2  Jeffery  Mfg.  Div,  Dresser  Industries,  Inc 

16.10.3  Kennedy  Van  Saun  Corp. 

16.11  Ring  Crusher 

16.11.1  American  Pulverizer  Co. 

16.11.2  Pennsylvania  Crusher  Corp. 

16.11.3  Universal  Engineering  Corp. 

16.12  Rotary  Breaker 

16.12.1  Heyl  &  Patterson 

16.12.2  Kennedy  Van  Saun  Corp. 

16.12.3  McNally  Pittsburg  Mfg.  Corp. 

16.13  Samplers 

16.13.1  McNally  Pittsburg  Mfg.  Corp. 

16.13.2  Lively  Mfg.  &  Equip.  Co. 

16.13.3  Kennedy  Van  Corp. 

16.14  Flight  Conveyor 

16.14.1  Dresser  Industries,  Inc. 

16.14.2  Webb,  Jervis  B.  Co. 

16.14.3  Fairfield  Engineering  Co. 

16.15  Apron  Conveyor 

16.15.1  FMC  Corp.,  Materials  Handling  Systems  Div 

16.15.2  McNally  Pittsburg  Mfg.  Corp. 

16.15.3  Webb,  Jervis  B.  Co. 

16.16  Belt  Conveyor 

16.16.1  McNally  Pittsburg  Mfg.  Corp. 

16.16.2  Webb,  Jervis  8.  Co. 

16.16.3  Midwest  Conveyor  Co. 
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16.  MANUFACTURERS  OF  EQUIPMENT  (Continued) 


16.17  Screw  Conveyor 

16.17.1  Webb,  Jervis  B.  Co. 

16.17.2  McNally  Pittsburg  Mfg.  Corp. 

16.17.3  FMC  Corp.,  Material  Handling  Equipment  Div. 

16.18  Bucket  Elevator 

16.18.1  Fairfield  Engineering  Co. 

16.18.2  Webb,  Jervis  B.  Co. 

16.18.3  Dresser  Industries,  Inc. 

16.19  Weighing  Devices 

16.19.1  Merrick  Scale 

16.19.2  Ramsey  Engineering  Co. 

16.19.3  Kay-Ray,  Inc. 

16.20  Dust  Collectors 

16.20.1  American  Air  Filter  Co.,  Inc. 

16.20.2  Research-Cottrel 1 ,  Inc. 

16.20.3  General  Resource  Corp. 

16.21  Dust  Suppression 

16.21.1  Fairfield  Engineering  Co. 

16.21.2  Aquadyne,  Div.  of  Motomco,  Inc. 

16.21.3  General  Resource  Corp. 


16.22  Magnetic  Devices 

16.22.1  Dings  Co.,  Magnetic  Group 

16.22.2  Eriez  Magnetics 

16.22.3  Stearns  Magnetics  Inc.,  Div.  of  Magnetics,  Int 
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17.  ADDRESSES  OF  MANUFACTURERS 

American  Air  Filter  Co.,  Inc. 
215  Central  Ave 
Louisville,  KY  40277 

American  Pulverizer  Co. 

5540  W.  Park  Ave 
St  Louis,  MO  63110 

Aquadyne,  Div.  of  Motomco,  Inc. 
267  Vreeland  Ave 
P.0.  Box  300 
Paterson,  NJ  07513 

Barber-Greene  Co. 

400  N.  Highland  Ave 
Aurora,  IL  60507 

Dings  Co.,  Magnetic  Group 
4742  W.  Electric  Ave 
Milwaukee,  WI  53219 

Dravo  Wellman  Co. 

113  St.  Clair  Ave.  N.E. 
Cleveland,  OH  44114 

Dresser  Industries,  Inc. 

1503  Elm  St. 

Dallas,  TX  75201 

Eriez  Magnetics 
381  Magnet  Dr 
Erie,  PA  16512 

Fairfield  Engineering  Co. 

324  Barnhart  St 
Marion,  OH  43302 

FMC  Corp 

Material  Handling  Equip.  Div. 
Homer  City,  PA  15748 

General  Kenematics  Corp. 

777  Lake  Zurich  Rd 
Barrington,  IL  60010 
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17.  ADDRESSES  OF  MANUFACTURERS  (Continued) 

General  Resource  Corp 
201  S.  3rd  St. 

Hopkins.  MN  55434 

Stearns  Magnetics,  Inc. 

Div  of  Magnetics  Inti 
6001  So.  General  Ave 
Cudahy.  WI  53110 

Stephens-Adamson  Inc. 

Ridgeway  Ave 
Aurora,  IL  60507 

Universal  Engineering  Corp. 

625  C.  Ave,  N.W. 

Cedar  Rapids,  IA  52405 

Webb,  Jervis  B.  Co. 

Webb  Dr 

Farmington  Hills,  MI  49018 

Hewitt-Robins  Div 
Litton  Systems,  Inc. 

P.0.  Box  1481 
Columbia,  SC  29202 

Heyl  &  Patterson,  Inc 
P.0.  Box  36 
Columbia,  SC  15230 

Jeffrey  Mfg.  Div 
Dresser  Industries  Inc. 

P.0.  Box  3080 
Greenville,  SC  29602 

Kay-Ray  Inc 

516  W,  Campus  Dr 

Arlington  Heights,  IL  60005 

Kennedy  Van  Saun  Corp 
Railroad  St. 

Danville,  PA  17821 

Lively  Mfg.  &  Equipment  Co. 

P.0.  8ox  339 

Glen  White,  WV  25849 
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17.  ADDRESSES  OF  MANUFACTURERS  (Continued) 

McNally  Pittsburg  Mfg.  Corp 
P.O.  Box  15 
Pittsburg,  KS  66762 

Merrick  Scale 
180  Autumn  St 
Passaic,  NJ  07055 

Midwest  Conveyor  Co 
450-B  E.  Donovan  Rd. 

Kansas  City,  KS  44711 

Pennsylvania  Crusher  Corp 
P.O.  Box  100 
Broomau,  PA  19008 

Ramsey  Engineering  Co. 

1853  W.  County  Rd.  C. 

St  Paul,  MN  55113 

Research-Cottrell ,  Inc 
P.O.  Box  1500 
Somerville,  NJ  08876 

Schroeder  Bros.  Corp 
Nichol  Ave.,  Box  72 
McKees  Rocks,  PA  15136 
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US  Military  Academy 
ATTN:  Dept  of  Mechanics 
West  Point,  NY  10996 

US  Military  Academy 
ATTN:  Library- 
West  Point,  NY  10996 

HQ DA  (DALO-TSE-F) 

WASH  DC  20314 

HQDA  (DAEN-ASI-L)  (2) 
WASH  DC  20314 

HQDA  (DAEN-MPO-8) 

WASH  DC  20314 

HQDA  (DAEN-MPR-A) 

WASH  DC  20314 

HQDA  (DAEN-MPO-U) 
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HQDA  (DAEN-MPZ-A) 
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HQDA  (DAEN-MPZ-E) 
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HQDA  (DAEN-MPZ-G ) 

WASH  DC  20314 

HQDA  (DAEN-RDM) 

WASH  DC  20314 

HQDA  (DAEN-RDL) 

WASH  DC  20314 

Director,  USA-WES 
ATTN:  Library 
P.0.  Box  631 
Vicksburg,  MS  39181 

Commander,  TRADOC 
Office  of  the  Engineer 
ATTN:  ATEN 
Ft.  Monroe,  VA  23651 
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Commander,  TRADOC 
Office  of  the  Engineer 
ATTN:  ATEN-FE-U 
Ft  Monroe,  VA  23651 

AF  Civil  Engr  Center/XRL 
Tyndall  AF8,  FL  32401 

Naval  Facilities  Engr  Command 
ATTN:  Code  04 
200  Stovall  St. 

Alexandria,  VA  22332 

Defense  Documentation  Center 
ATTN:  TCA  (12) 

Cameron  Station 
Alexandria ,  VA  22314 

Commander  and  Director 
USA  Cold  Regions  Research  Engineering 
La boratory 
Hanover,  NH  03755 

FORSCOH 
ATTN:  AFEN 

Ft  McPherson,  GA  30330 
FORSCOM 

ATTN:  AFEN-FE 
Ft  McPherson,  GA  30330 

Officer-i n-Charge 
Civil  Engineering  Laboratory 
Naval  Construction  Battalion  Center 
ATTN:  Library  (Code  LOPA) 

Port  Hueneme,  CA  93043 

Commander  and  Director 
USA  Construction  Engineering 
Research  Laboratory 
P.0.  Box  4005 
Champaign,  IL  61820 

Commanding  General,  3d  USA 

ATTN:  Engineer 

Ft.  McPherson,  GA  3  03  3  0 
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Commanding  General,  5th  USA 

ATTN:  Engineer 

Ft  Sam  Houston,  TX  78234 

AFCE  Center 

Tyndall  AFB,  FL  32403 

Commander,  DARCCM 
Director,  Installation 
and  Services 
5001  Ei senhower  Ave. 

Alexandria,  V A  22333 

Commander,  DARCOM 

ATTN:  Chief,  Engineering  Div. 

5001  Ei  senhower  Ave 
Alexandria,  VA  22333 

Air  Force  Weapons  Lab/AFWL/DE 
Chief,  Civil  Engineering 
Research  Division 
Kirtl and  AFB,  NM  87117 

Strategic  Air  Command 
ATTN:  DSC/CE  (DEEE) 

Offutt  AFB,  NE  68112 

Headquarters  USAF 

Directorate  of  Civil  Engineering 

AF/PREES 

Bolling  AFB,  Washington,  DC  20333 

Strategic  Air  Command 
Engineering 
ATTN:  Ed  Morgan 
Offutt  A^B,  NE  68113 

USAF  Institute  of  Technology 
AFIT/DED 

Wright  Patterson  AFB,  OH  45433 

Air  Force  Weapons  Lab 
Technical  Library  (DOUL) 

Kirtland  AFB,  NM  87117 


Chief,  Naval  Facilities 
Engineer  Command 
ATTN:  Chief  Engineer 
Department  of  the  Navy 
Washington,  DC  203  50 

Commander 

Naval  Facilities  Engineering  Cmd 
200  Stovall  St 
Alexandria,  VA  22332 

Commander 

Naval  Facilities  Engr  Gnd 
Western  Division 
Box  727 

San  Bruno,  CA  94066 

Civil  Engineering  Center 
ATTN:  Moreell  Library 
Port  Hueneme,  CA  93043 

Commandant  of  the  Marine  Corps 
HQ,  US  Marine  Corps 
Washington,  DC  203  8  0 

National  Bureau  of  Standards  (4) 
Materials  &  Composites  Section 
Center  for  Building  Technology 
Washington,  DC  20234 

Assistant  Chief  of  Engineer 
Rm  1 E  668,  Pentagon 
#  Washington,  DC  2031  0 

The  Army  Library  (ANRAL-R) 

ATTN:  Army  Studies  Section 
Room  1A  518,  The  Pentagon 
Washington,  DC  2031  0 

Comma nder-i n-Chief 

USA,  Europe 

ATTN:  AEAEN 

APO  New  York,  NY  09403 
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Commander 

USA  Foreign  Science  and 
Technology  Center 
220  8th  St.  N.E. 
Charlottesville,  VA  22901 

Comma nder 

USA  Science  &  Technology 
Information  Team ,  Europe 
APO  New  York,  NY  0971  0 

Commander 

USA  Science  &  Technology 
Center  -  Far  East  Office 
APO  San  Francisco,  CA  96328 

Commanding  General 

USA  Engineer  Command,  Europe 

APO  New  York,  NY  09403 

Deputy  Chief  of  Staff 
for  Logistics 
US  Army,  The  Pentagon 
Washington,  DC  2Q310 

Commander,  TRADOC 
Office  of  the  Engineer 
ATTN:  Chief,  Facilities 
Engineering  Division 
Ft  Monroe,  VA  23651 

Commanding  General 
USA  Forces  Command 
Office  of  the  Engineer 
(AFEN-FES) 

Ft  McPherson,  GA  30330 

Commanding  General 
USA  Forces  Command 
ATTN:  Chief,  Facilities 
Engineering  Division 
Ft  McPherson,  GA  3  03  3  0 

Commanding  General,  1st  USA 

ATTN:  Engineer 

Ft  George  G.  Meade,  MD  20755 


Commander 

USA  Support  Command,  Hawaii 
Fort  Shafter,  HI  96858 

Commander 

Eighth  US  Army 

APO  San  Francisco  96301 

Commander  * 

US  Army  Facility  Engineer 
Activity  -  Korea 
APO  San  Francisco  96301 

Commander 

US  Army,  Japan 

APO  San  Francisco,  CA  96343 

Facilities  Engineer 

Fort  Bel  voir 

Fort  Belvoir,  VA  22060 

Facilities  Engineer 

Fort  Benning 

Fort  Benning,  GA  31905 

Facilities  Engineer 
Fort  Bliss 

Fort  Bliss,  TX  7  9916 

Facilities  Engineer 
Carlisle  Barracks 
Carlisle  Barracks,  PA  17013 

Facilities  Engineer 

Fort  Chaffee 

Fort  Chaffee,  AR  72902 

Facilities  Engineer 
Fort  Dix 

Fort  Dix,  NJ  08640 

Facilities  Engineer 
Fort  Eustis 

Fort  Eustis,  VA  23604 
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Facilities  Engineer 
Fort  Gordon 

Fort  Gordon,  GA  30905 


Facilities  Engineer 
Fort  Story 

Fort  Story,  VA  23459 


Facilities  Engineer 

Fort  Hamilton 

Fort  Hamilton,  NY  11252 

Facilities  Engineer 

Fort  A  P  Hill 

Bowling  Green,  VA  22427 

Facilities  Engineer 

Fort  Jackson 

Fort  Jackson,  SC  29207 

Facilities  Engineer 
"Fort  Knox 

Fort  Knox,  KY  40121 

Facilities  Engineer 
Fort  Lee 

Fort  Lee,  VA  23801 

Facilities  Engineer 

Fort  McClellan 

Fort  McClellan,  AL  36201 

Facilities  Engineer 

Fort  Monroe 

Port  Monroe,  VA  23651 

Facilities  Engineer 

Presidio  of  Monterey 

Presidio  of  Monterey,  CA  93940 

Facilities  Engineer 
Fct  -'’ickett 
Bl  acetone,  VA  23824 

Fact! i ties  Engi neer 
Fort  Rucker 

Fort  Rucker,  AL  36362 

F a  : : 1 i e s  Engineer 
Fc  ji 1 1 

Fc  *  Sill,  OK  73503 


Facilities  Engineer 
Kansas  Army  Ammunition  Plant 
Parsons,  KS  67357 

Facilities  Engineer 

Lone  Star  Army  Ammunition  Plant 

Texarkana,  TX  75501 

Facilities  Engineer 
Picatinny  Arsenal 
Dover,  NJ  07  801 

Facilities  Engineer 
Louisiana  Army  Ammunition  Plant 
Shreveport,  LA  71130 

Facilities  Engineer 
Milan  Army  Ammunition  Plant 
Milan,  TN  38358 

Facilities  Engineer 
Pine  Bluff  Arsenal 
Pine  Bluff,  AR  71601 

Facilities  Engineer 
Radford  Army  Ammunition  Plant 
Radford,  VA  24141 

Facilities  Engineer 
Rock  Island  Arsenal 
Rock  Island,  IL  61201 

Facilities  Engineer 
Rocky  Mountain  Arsenal 
Denver,  CO  80340 

Facilities  Engineer 
Scranton  Army  Ammunition  Plant 
156  Cedar  Avenue 
Scranton,  PA  18503 

Facilities  Engineer 
Tobyhanna  Army  Depot 
Tobyhanna,  PA  18466 
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Facilities  Engineer 
Tooele  Army  Depot 
Tooele,  UT  84074 

Facilities  Engineer 
Arlington  Hall  Station 
400  Arlington  Blvd 
Arlington,  VA  22212 

m 

Facilities  Engineer 
Cameron  Station,  Bldg  17 
5010  Duke  Street 
Alexandria,  VA  22314 

Facilities  Engineer 

Sunny  Point  Military  Ocean  Terminal 

Southport,  NC  28461 

Facilities  Engineer 
US  Military  Academy 
West  Point  Reservation 
West  Point,  NY  10996 

Facilities  Engineer 

Fort  Ritchie 

Fort  Ritchie,  MD  21719 

Facilities  Engineer 
Army  Materials  &  Mechanics 
Research  Center 
Watertown,  MA  02172 

Facilities  Engineer- 
Ballistics  Missile  Advanced 
Technology  Center 
P.0.  Box  1500 
Huntsville,  AL  35807 

Facilities  Engineer 
Fort  Wainwright 
172d  Infantry  Brigade 
Fort  Wainwright,  AK  99703 

Facilities  Engineer 

Fort  Greely 

Fort  Greely,  AK  98733 

Facilities  Engineer 

Fort  Richardson 

Fort  Richardson,  AK  99605 
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Facilities  Engineer 
Harry  Diamond  Laboratories 
2800  Powder  Mill  Rd 
Adel  phi,  MD  20783 

Facilities  Engineer 
Fort  Mi sscjl a 
Missoula,  MT  59801 

Facilities  Engineer 
New  Cumberland  Army  Depot 
New  Cumberland,  PA  1  7  070 


Facilities  Engineer 
Oakland  Army  Base 
Oakland,  CA  94626 

Facilities  Engineer 
Vint  Hill  Farms  Station 
Warrentown,  VA  22186 

Facilities  Engineer 

Twin  Cities  Army  Ammunition  Plant 

New  Brighton ,  MN  55112 

Facilities  Engineer 
Volunteer  Army  Ammunition  Plant 
Chattanooga,  IN  37401 

Facilities  Engineer 
Watery! iet  Arsenal 
Watervliet,  NY  12189 

Facilities  Engineer 
St  Louis  Area  Support  Center 
Granite  City,  IL  62040 

Facilities  Engineer 

Fort  Monmouth 

Fort  Monmouth,  NJ  077  03 

Facilities  Engineer 
Redstone  Arsenal 
Redstone  Arsenal,  AL  35309 


Facilities  Engineer 
Detroit  Arsenal 
Warren  ,  M I  4  8039 

Facilities  Engineer 

Aberdeen  Proving  Ground 

Aberdeen  Proving  Ground,  MO  21005 

Facilities  Engineer 
Jefferson  Proving  Ground 
Madison,  IN  47250 

Facilities  Engineer 
Dugway  Proving  Ground 
Dugway,  UT  84022 

Facilities  Engineer 
Fort  McCoy 
Sparta,  WI  54656 

Facilities  Engineer 

White  Sands  Missile  Range 

White  Sands  Missile  Range,  NM  88002 

Facilities  Engineer 
Yuma  Proving  Ground 
Yuma,  AZ  85364 

Facilities  Engineer 
Natick  Research  &  Dev  Ctr 
Kansas  St. 

Natick,  MA  01760 

Facilities  Engineer 
Fort  Bragg 

Fort  Bragg,  NC  28307 

Facilities  Engineer 

Fort  Campbell 

Fort  Campbell,  KY  42223 

facilities  Engineer 

Fort  Carson 

Fort  Carson,  CO  80913 

Facilities  Engineer 
Fort  Drum 

Watertown,  NY  13601 


Facilities  Engineer 
Fort  Hood 

Fort  Hood,  TX  76544 

Facilities  Engineer 
Fort  Indiantown  Gap 
Annville,  PA  17003 

Facilities  Engineer 
Fort  Lewi  s 

Fort  Lewis,  WA  98433 

Facilities  Engineer 

Fort  MacArthur 

Fort  MacArthur,  CA  90731 

Facilities  Engineer 

Fort  McPherson 

Fort  McPherson,  GA  30330 

Facilities  Engineer 

Fort  George  G .  Meade 

Fort  George  G.  Meade,  MD  20755 

Facilities  Engineer 
Fort  Polk 

Fort  Polk,  LA  71459 

Facilities  Engineer 
Fort  Riley 

Fort  Riley,  KS  66442 

Facilities  Engineer 

Fort  Stewart 

Fort  Stewart,  GA  31312 

Facilities  Engineer 
Indiana  Army  Ammunition  Plant 
Charlestown,  IN  47111 

Facilities  Engineer 
Joliet  Army  Ammunition  Plant 
Joliet,  IL  60436 

Facilities  Engineer 
Anniston  Army  Depot 
Anniston,  AL  36201 
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Facilities  Engineer 
Corpus  Christi  Army  Depot 
Corpus  Christi,  TX  7841  9 

Facilities  Engineer 
Red  River  Army  Depot 
Texarkana,  TX  75501 

Facilities  Engineer 
Sacramento  Army  Depot 
Sacramento,  CA  95813 

Facilities  Engineer 
Sharpe  Army  Depot 
Lathrop,  CA  95330 


Facilities  Engineer 

Gulf  Output 

New  Orleans,  LA  70146 

Facilities  Engineer 

Fort  Huachuca 

Fort  Huachuca,  AZ  86513 

Facilities  Engineer 
Letterkenny  Army  Depot 
Chambersburg ,  PA  17201 

Facilities  Engineer 
Michigan  Army  Missile  Plant 
Warren,  MI  48089 


Facilities  Engineer 
Seneca  Army  Depot 
Romulus,  NY  14541 

Facilities  Engineer 
Fort  Ord 

Fort  Ord,  CA  93  941 

Facilities  Engineer 

Presidio  of  San  Francisco 

Presidio  of  San  Francisco,  CA  94129 

Faci 1 i t ies  Engineer 

Fort  Sheridan 

Fort  Sheridan,  IL  60037 

Facilities  Engineer 
Holston  Army  Ammunition  Plant 
Kingsport,  TN  3  7662 


COL  E.C.  Lussier 
Fitzsimons  Army  Med  Center 
ATTN:  HSF-DFE 
Denver,  CO  80240 

US  Army  Engr  Dist,  New  York 
ATTN:  NANEN-E 
26  Federal  Plaza 
New  York,  NY  10007 

USA  Engr  Dist,  Baltimore 
ATTN:  Chief,  Engr  Div 
P.0.  Box  2715 
Baltimore,  MD  21203 

USA  Engr  Dist,  Charleston 
ATTN:  Chief,  Engr  Div 
P.0.  Box  919 
Charleston,  SC  29402 


Facilities  Engineer 
Baltimore  Output 
Baltimore,  MD  21222 

Facilities  Engineer 

Bayonne  Military  Ocean  Terminal 

Bayonne,  NJ  07002 

Facilities  Engineer 

Bay  Area  Military  Ocear,  Terminal 

Oakland,  CA  94626 


USA  Engr  Dist,  Detroit 
P.0.  Box  1027 
Detroit,  MI  48231 

USA  Engr  Dist,  Kansas  City 
ATTN:  Chief,  Engr  Div 
700  Federal  Office  Bldg. 
601  E.  12th  St 
Kansas  City,  MO  64106 
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USA  Engr  Di st ,  Onaha 
ATTN:  Chief,  Engr  Div 
7410  USOP  and  Courthouse 
215  N.  17th  St 
Onaha,  NE  68102 

USA  Engr  Dist,  Fort  Worth 
ATTN:  Chief,  SUFED-D 
P.0.  Box  17300 
Fort  Worth,  TX  76102 

USA  Engr  Dist,  Sacramento 
ATTN:  Chief,  SPKED-D 
650  Capitol  Mall 
Sacramento,  CA  9581  4 

USA  Engr  Dist,  Far  East 
ATTN:  Chief,  Engr  Div 
APO  San  Francisco,  CA  96301 


USA  Engr  Dist,  Japan 

APO  San  Francisco,  CA  96343 

USA  Engr  Div,  Europe 

European  Div,  Corps  of  Engineers 

APO  New  York,  NY  09757 

USA  Engr  Div,  North  Atlantic 
ATTN:  Chief,  NADEN-T 
90  Church  St. 

New  York,  NY  10007 

USA  Fntr  Div,  South  Atlantic 
ATTN:  Chief,  SAEN-TE 
510  Title  Bldg 
NO  Fryor  St,  SW 
Atlanta,  GA  3  03  03 

A  Engr  Dist,  Mobile 
ATTN:  Chief,  SAMEN-C 
P.0.  Cox  2288 
Mobile,  AL  36601 

;  '*  Engr  Dist,  Louisville 
ATTN;  Chief,  Engr  Div 
\0.  Box  59 
Louisville,  KY  40201 


USA  Engr  Div,  Norfolk 
ATTN:  Chief,  NAOEN-D 
803  Front  Street 
Norfolk,  VA  23510 

USA  Fngr  Div,  Missouri  River 
ATTN:  Chief,  Engr  Div 
P.0.  Box  103  Downtown  Station 
Omaha,  NE  68101 

USA  Engr  Div,  South  Pacific 
ATTN:  Chief,  SPDED-TG 
630  Sansome  St,  Rm  1216 
San  Francisco,  CA  94111 

USA  Engr  Div,  Huntsville 
ATTN:  Chief,  HNDED-ME 
P.0.  Box  1600  West  Station 
Huntsville,  AL  3  5807 

USA  Engr  Div,  Ohio  River 
ATTN:  Chief,  Engr  Div 
P.0.  Box  1159 
Cincinnati,  Ohio  45201 

USA  Engr  Div,  North  Central 
ATTN:  Chief,  Engr  Div 
536  S.  Clark  St. 

Chicago,  IL  60605 

USA  Engr  Div,  Soutnwestem 
ATTN:  Chief,  SWDED-TM 
Main  Tower  Bldg,  12  00  Main  St 
Dallas,  TX  75202 

USA  Engr  Dist,  Savannah 
ATTN:  Chief,  SASAS-L 
P.0.  Box  889 
Savannah,  GA  31402 

Commander 

US  Army  Facilities  Engineering 
Support  Agency 
Support  Detachment  11 
Fort  Gillem,  GA  30050 
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Commander 

US  Army  Facilities  Engr  Spt  Agency 

ATTN:  MAJ  Brisbine 

Support  Detachnent  III 

P.0.  Box  6550 

Fort  Bliss,  TX  7  5916 


NCOIC 

US  Army  Facilities  Engr  Spt  Agency 

Support  Detachment  II 

ATTN:  F ESA- 1 1 -BE 

P.0.  Box  2207 

Fort  Benni ng  GA  31  905 


NCOIC  * 

US  Army  Facilities  Engr  Spt  Agency 

Support  Detachment  III 

ATTN:  FESA-1 1 1- SI 

P.O.  Box  3  031 

Fort  Sill,  OK  735G3 

NCOIC 

US  Army  Facilities  Engr  Spt  Agency 
Support  Detachment  III 
ATTN:  FESA-1 1 1 - PR 
P.O.  Box  29704 

Presidio  of  San  Francisco,  CA  94129 


NCOIC 

US  Army  Facilities  Engr  Spt  Agency 

ATTN:  FESA-I II-CA 

Post  Locator 

Fort  Carson,  CO  80913 

Comma nder/CPT  Ryan 

US  Army  Facilities  Engr  Spt  Agency 

Support  Detachment  IV 

P.O.  Box  300 

Fort  Monmouth,  NJ  07703 

NCOIC 

US  Army  Facilities  Engr  Spt  Agency 
ATTN:  FESA-IV-MU 
P.O.  Box  300 

Fort  Monmouth,  NJ  07703 


NCOIC 

US  Army  Facilities  Engr  Spt  Agency 
Support  Detachment  IV 
ATTN:  FESA-IV-ST 
Stewart  Army  Subpost 
Newburgh,  New  York  12250 


NCOIC 

US  Army  Facilities  Engineering 
Support  Agency 
Support  Detachment  II 
ATTN:  f ESA- I I-JA 
Fort  Jackson,  SC  2  92  07 


NCOIC 

US  Army  Facilities  Engr  Spt  Agency 
Support  Detachnent  II 
ATTN:  FESA-I I- KN 
Fort  Knox,  KY  40121 

Naval  Facilities  Engineering  Cmd 
Energy  Programs  Branch,  Code  1023 
Hoffmann  Bldg.  2,  (Mr.  John  Hughes) 
Stovall  Street 
Alexandria,  V A  22332 

Commander 

US  Army  Facilities  Engineering 
Support  Agency 
FE  Support  Detachnent  I 
APO  New  York,  NY  09081 

Navy  Energy  Office 
ATTN:  W.R.  Mitchum 
Washington  DC  20350 

David  C.  Hall 

Energy  Projects  Qfficer 

Dept,  of  the  Air  Fo*-ce 

Sacramento  Air  Logistics  Center  (At 

2852  ABG/DEE 

McClellan,  CA  95652 

USA  Engineer  District,  Chicago 
219  S.  Dearborn  Street 
ATTN:  District  Engineer 
Chicago,  IL  60604 

Directorate  of  Facilities  in-nneer 
Energy  Environmental  S  Self  '-'elp  r> 
Fort  Campbell,  KY  4°223 

Commander  and  Director 
Construction  Engineering  Research 
La  bo  ra  to  ry 
ATTN:  COL  Circeo 
P.O.  Box  4005 
Champaign,  ii  61S?0 


Mr.  Ray  He! ler 
Engineering  Services  Branch 
DFAE,  Bldg.  1950 
Fort  Sill ,  OK  73503 

Commander- in -Chi  of 
HQ,  USAEUR 
ATTN:  AEAEN-EH-U 
APO  New  York  094  03 

HQ  AFESC/RDVA 
ATTN:  Mr.  Hathaway 
Tyndall  AFB,  FL  32403 

Commander  and  Director 

Construction  Engineering  Research  Lab 

ATTN:  Library 

P.0.  Box  4005 

Champaign,  IL  61820 

HQ,  5th  Signal  Command 
Office  of  the  Engineer 
APO  New  York  09056 

HQ,  Us  Military  Community  Activity, 
Heil bronn 

Director  of  Engineering  &  Housing 
ATTN:  Rodger  D.  Romans 
APO  New  York  09176 

Commanding  General 
HQ  USATC  and  Fort  Leonard  Wood 
ATTN:  Facility  Engineer 
Fort  Leonard  Wood,  MO  65473 

SSG  Ruiz  Burgos  Andres 
D.F.E.,  HHC  Hq  Qnd  193d  Inf 
BDE 

Ft.  Clayton,  C/Z 

Energy/Environmental  Office 
ATTN:  David  R.  Nichols 
USMCA-NBG  (DEH) 

APO  New  York  0  96  96 

Commander 

535th  Engineer  Detachment 

P.0.  Box  300 

Fort  Monmouth,  NJ  07703 


NCOIC 

535th  Engineer  Detachment,  Team  A 

ATTN:  SFC  Prenger 

P.0.  Box  224 

Fort  Knox,  KY  40121 

NCOIC 

535th  Engineer  Detachment,  Team  B 
ATTN:  SP6  Cathers 
P.0.  Box  300 

Fort  Monmouth,  NJ  07703 
NCOIC 

535th  Engineer  Detachment,  Team  C 

ATTN:  SFC  Jackson 

P.0.  Box  4301 

Fort  Eustis,  VA  23604 

NCOIC 

535th  Engineer  Detaclment ,  Team  D 
ATTN:  SFC  Hughes 
Stewart  Army  Subpost 
Newburg,  New  York  12550 

Commander 

Persidio  of  San  Francisco, 

Cali fornia 

ATTN:  AFZM-DI/Mr.  Prugh 
San  Francisco,  CA  94129 

Facilities  Engineer 
Corpus  Christi  Army  Oepot 
ATTN:  Mr.  Joseph  Canpu/Stop  24 
Corpus  Christi,  TX  78419 

Walter  Reed  Army  Medical  Center 
ATTN:  KHSWS-E/James  Prince 
6825  16th  St. ,  NW 
Washington,  DC  20012 

Commanding  Officer 

Installations  and  Services  Activity 

ATTN:  DRCIS-RI-IB 

Rock  Island  Arsenal 

Rock  Island,  IL  61299 
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Commanding  Officer 
Northern  Division  Naval 

Facilities  Engineering  Command 
Code  l 02  (Mr.  E.F.  Humm) 

Naval  Base 

Philadelphia,  PA  19112 

Commander,  US  Army  Facilities  Engineering 
Support  Agency 
Support  Detachment  I 
APO  New  York  09081 

HQ,  USA  Health  Services  Cmd 
Bldg.  2792 
ATTN:  HSLO-F 

Fort  Sam  Houston,  TX  78234 
HQDA 

(DAEN-M PE-E) 

WASH  DC  203  1  4 

Commanding  Officer 
Northern  Division  Naval 

Facilities  Engineering  Command 
Code  10 

Naval  Base,  Building  77 
Philadelphia,  PA  19112 

Facilities  Engineer 

Fort  Leavenworth 

Fort  Leavenworth,  ,<S  66027 

Facilities  Engineer 

Fort  Benjamin  Harrison 

Fort  Benjamin  Harrison,  IN  46216 

Office  of  the  ASE 
ATTN:  MAJ  Johnson 
Camp  Ripley 

Little  Falls,  MN  56345 

Commander 
US  Army  Garrison 
ATTN:  HSD-FE 
Fort  Detrick,  MD  21 701 

AFESC/DEB 

ATTN:  Mr.  Fred  Season 
Tyndall  Ai  J,  FL  32403 


Mr.  David  White 
Defense  Audit  Service 
888  North  Sepulveda  Blvd. 

Suite  610 

El  Sequndo,  CA  90245 

Facilities  Engineer 
Bldg.  3  08 

Fort  Myer,  VA  22211 
NAVFAC 

ATTN:  John  Zekan 
Code  0833  Hoffmann  Building 
200  Stovall  Street 
Alexandria,  VA  22332 

HQ,  USASCH 

Director  Engineering  &  Housing 
Fort  Shafter,  HI  96858 

HQ,  WESTCOM 

ATTN:  APEN-CE 

Fort  Shafter,  HI  96858 

Headquarters  US  Army  Materiel  Devel opme-n ' 
&  Readiness  Command 
ATTN:  Energy  Office,  DRCIS-C 
Alexandria,  VA  22333 

One  Stop  Coordinator 
Army  Corps  of  Engineers 
ATTN:  ORNED-D  (Connie  Flatt) 

P.0.  Box  in70 
Nashville,  TN  37202 

Solar  Energy  Research  Institute 
1617  Cole  Boulevard 
Golden,  CO  80401 

American  Telephone  &  Telegraph  Co. 

ATTN:  Kenneth  T.  Risberg 
22?  Mt.  Airy  Road,  Rm  192B5 
Basking  Ridge,  NJ  07920 

LCDR  D.  J.  Clark 
Navy  Material  Command 
COde  08  E 

Washington,  DC  20360 
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Office  of  Secretary  of  Defense 
Installations  &  Housing 
ATTN:  Mr.  Millard  Carr 
WASH  DC  20301 

Commandant  (6-ECV-2/65) 

ATTN:  LTC  Peck 
US  Coast  Guard  HQTRS 
2100  2nd  St.  SW 
WASH  DC  20593 

HQ  AFESC/DEB 

ATTN:  COL.  William  R.  Gaddi e 
Tyndall  AFB,  FL  32403 


